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/ CONNECTED. 


INSTALL CLEAR OVERSIZED 
SHRINK TUBE. 
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BLOCK WIRING DIAGRAM. 
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NOTES: 

1. FOR LEGEND, ABBREVIATIONS & GENERAL NOTES, SEE DWG E-1. 

2. ALL SHIELDS MUST BE ISOLATED FROM GROUND. APPROVED "SHRINK" 
TUBING SHALL BE USED ON ALL DRAIN CONDUCTORS. SEE TYPICAL 
SHIELD/DRAIN INSULATING METHOD "A" ON THIS DWG. 

3. ALL WIRING SHALL BE FREE OF GROUND FAULTS, OPENS, SHORTS 
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